
PART PLAN - 75TH FLOOR 


12 


16 


SCALE IN FEET 


c 

ONDUIT AND CABLE SCHEDULE - STAGE H & HI " 
SWITCHGEAR CONTROL & INDICATION 

CKT. 
DESK*. 

FROM 

TO 

SERVICE 

CDT. 

WIRE 

SWITCHGEAR - LOCAL CONTROL CAj 

3INET 


IC-1 

LOCAL CONTR. CAS. 

SWGR. HV-B1 

CONTROL 

1 1/4" 

1-12/C #14 

LC-2 

LOCAL CONTR. CAB. 

SWGR. HV-*2 

CONTROL 

1 1/4- 

1-12/C #14 

LC-3 

LOCAL CONTR. CAB. 

SWGR, HV-B3 

CONTROL 

1 1/4" 

1-12/C f 14 

LC-4 

LOCAL CONTR. CAB. 

SWGR. HV-B4 

CONTROL 

1 1/4" 

1-12/C #14 













SWITQHGEAR - INTERLOCKING RKRS. HV-B. N. A 


1-1 

SWGR. BKR. T1-3 

BKR. HV-B1 

240V. AC. 

1 1/2" 

1-19/C #14 

M. 

SWGR. BKR. T1-2 

SKR. HV-B2 

240V. AC. 

1 1/2" 

1-19/C #14 

1-3 

SWCR. BKR, T3-4 

BKR. HV-B3 

240V. AC. 

1 1/2" 

1-19/C #14 

1-4 

SWGR. BKR. T2-4 

BKR. HV-B4 

240V. A.C. 

Tl/2" 

1-19/C #14 

1-1-2 

SWGR. BKR. T1-3 

BKR. T1-4 

240V. AC. 

1 1/2" 

1-19/C #14 
& 3-f/C #14 

1-3-4 

SWGR. BKR. T2-4 

BKR. T3-4 

240V. A.C. 

1 1/2* 

1-19/C #14 
& 3-f/C #14 













REMOTF INDICATION 

TH 

TRANS'F, TR-1 

BKR. N-l 

01P N-1 

3/4" 

8 #14 

T2-I 

TRANS'F. TR-2 

BKR. N-2 

DIP N-2 

3/4" 

8 #14 

T3-I 

TRANS'F. TR-3 

BKR. N-3 

DIP N-3 

3/4" 

8 #14 

T4-I 

TRANS'F. TR-4 

BKR. N-4 

DIP N-4 

3/4" 

8 #14 

UPS-I 

U.P.S. 

CB-R1 

DIP R-1 

3/4" 

4 #14 

LC-I 

LOCAL CONTROL CAB. 

CB-L3 

DIP L-3 

3/4" 

2 #14 







DIGITAL INSTRUMENT PACKAGF miPl 


S^1_ 

NOTE: FOR CON 

NECTiON SEE DWG. E-103 
5MMUNICATIONS WIRING DIAGRAM 

3/4" 

1~2pr TW SH 

S~2 

SCADA C( 

3/4" 

2-2pr TW SH 







.. AUTOMATIC TRANSFER SWITCH CONTROL CONDUIT 


EXIST TERM. CAB. 
fN ELEC. CL. "C 

TERM. CAB. 
#ATS~75W 

120V 

r 

18 #12 _ 


TERM. CAS. #ATS-75B 

TERM. CAS. 
#ATS-75W 

120V 

1 1/4* 

22 #12 

C-12 

TERM. CAB. #ATS-75W 

ATS 75WR 

120V 

i" 

16 #12 

C-H 

TERM. CAB. #ATS-75W 

ATS 75WL 

120V 

r" 

16 #12 

C-TW 

TERM. CAB. #ATS-75W 

EXIST. J.B. 

120V 

3/4" 

5 #12 _ _ 

C-SE 

TERM. CAB. #ATS-75B 

EXIST. JB SHUTTLE 
ELEV. MACH. RM. 

120V 

3/4" 

7 #12 - - 

C-BE 

TERM. CAB. #ATS-758 

EXIST. JB BANK 
ELEV. MACH. RM. 

120V 

3/4" 

7 #12 


rERM. CAB. #ATS-75W 

C8-R1 

120V 

3/4" 

3 #12 

TENANT MFTFR 

IN6 

CT-U 

BUS #4 

METER 


3/4" 

7 #14 "\ 

CT-L4 

BUS #3 

METER 


3/4" 

7 #14 / 

CT-R16 

BUS #4 

METER 


3/4" 

7 #14 \ 

CT-R17 

BUS #3 

METER 


3/4" 

7 #14 / 

CT-3-3 

BUS #3 

METER 


3/4" 

7 #14 — 




















PANEL CP-75W 
CONDUIT AND CABLE SCHEDULE 


COT. 
DESIGNATION 


CP-75W-1 


CP-75W-2 


CP-75W-7 


CP-75W-8 


CP-75W-9 


CP-75W-10 


CP-75W-11 


CP-75W-12 


CP-75W-13 


CP-75W-14 


CP-75W-15 


CP-75W-16 


CKT 
No 


WIRE 


No it SIZE 


2 #12 
1 #12 


TYPE 


XHHW-2 
GNO. 


2 16 
1 #H 


10 


11 


12 
13 


14 


15 


16 


2 I 
1 #1 


2 #6 
1 #10 


2 / 


2 #10 
1 #12 


2 #12 
1 #12 


i #10 


XHHW-2 
GNO. 


XHHW-2 
GND. 


XHHW-2 
GNO. 


XHHW-n 
GND. 


XHHW-2 
GND. 


XHHW-2 
GND. 


XHHW-2 
GND. 


XHHW-2 
GND. 


XHHW-2 
GND. 


CONQUtT 


SIZE 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


3/4" C. 


XHHW-2 
GND. 


XHHW-2 
GND. 


3/4" C. 


3/4" C. 


SEE OWG <E-99. CONNECTION ft [A? RAM 


WIRING FOR SUB. #SS-75W & E 


TEMPOiWRY CONOUfT 


-DIP INPUT 


-FUJI 


NOTE: 


2. 
3. 


THIS DRAWING SHOWS BOTH STAGE H AND HI 
WORK COMBINED. FOR SEPARATION OF WORK 
SEE NOTE #3 DWG. #E-68. 

FOR WORK IN ELECTRIC CLOSET "C" SEE 
DRAWING £-69, ONE UNF DIAGRAM 

FOR LOCAL CONTROL CABINET DETAILS SEE 
DRAWING E-107 


. 4. THE CONTRACTOR SHAix PROVIDE 7 JAW INDOOR 

I HEREBY CERTIFY THAT TH!S IS A TRUE AND CORRECT ^™V, R r *?3(ET WITH BY-PASS SWITCH. 

COPY OF ONE OF THE CONTRACT DRAWINGS CON- ^J^^^X^^^'V^^T" _ 

STfTUTING A PART Of CONTRACT NO. t0Z"BO2i 07/ Jg^AMP ^.J^SOCKET a«LL 6SDELTA METAL 

IN THE FORM tN V/HICH SAID DRAWINGS EXISTED AT ™^ M***™* EQUAL. rfETER WLL BE 

THE TIME THE SAID CONTRACT WAS EXECUTED BY Sr2w^?n^«D T AUTH0RITY ' KSTALLEO 

The f>A*T<£$. m 1Ht CONTRACTOR. 
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Titt* 


TOWER ONE AND TWO 
LOW VOLTAGE * 
SUBSTATIONS 
CONSTRUCTION AND 
INSTALLATION 

ELECTRICAL 

SUBSTATION SS-75W 
STAGE H AND HE 
75th FLOOR PLAN . 
CONTROL CDT. LAYOUT 


No. Dolt Ravbion 


Approvw) 


TWt fomj wbieet to eondWora ki eorftocL 
All trwmbont, tdfO*. dolyvi «nd nwUwds 
hwmn on mttvod to Port Authority Ond 
mar not be uMd «fth«tt R« written content 


LEAHY/ 
FISCHER 


LEAHY 


A.V. 


Dwignwl by Dnnro by Checktd by 
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